ABSTRACT

This report describes full-scale tests conducted on horizontal joints to
Investigate the behavior of wall-to-floor connections in large panel
structures. Splitting tests were also made to determine the optimum amount
of reinforcement in the ends of the walls to limit splitting. Controlled
variables included in the test program were strength of grout 1n the joint,
amount of transverse wall reinforcement, and presence of applied floor
moment and rotation. Effects of test variables on joint strength are dis-
cussed and a design procedure is proposed.
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